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NOTE: 

1 * r^JDS^MiFS™ 0F CA8L£: "^ 8EEN ALLOWED IN DIM. 1 
TO PROVIDE aEXIBIUTY OF INSTALLATION. 

EXTRA LENGTHS SHALL BE CUT OFF AT 'SITE AFTER 
INSTALLATION IS COMPLETE 

2. FOR LOCATIONS OF BRACING, SEE KEY PLAN (MECHANICAL) 

3 " ?^?l N ^^Tx B L R ? r 6I E0 IN p LAN VIEW BY A MAXIMUM 

ANGLE OF (±) 22.5* TO AVOID INTERFERENCE 
4. ALL CABLE 8RC.'S ARE BASED ON PRODUCTS OF LOOS A: 

CO. .NAPLES, a. APPROVED SUBSTITUTIONS ARE PERMISSIBLE. 
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GENERAL NOTES: 

1 - TKatId^^s 5 "^ ** e Fm S0SM,C SUPP0RT 

ADOmONAL HANGERS FOR DUCTS(GRAV1TY SUPPORT) © 8-0" 
MAX. SPACING, WITHOUT SEISMIC 8RS. SHALL BE PROVJOEO. 

2. ALL CABLES & ATTACHMENTS ARE REFERRED TO LOOS & CO'S 
INDENTIFYfNG NUMBERS. " 

ENGINEER. APPROVED EQUAL MAY BE SUBSTITUTED FOR THOSE 
SPECIFIED HEREIN. 

3. FOR FURTHER SOSMIC BRACINGS FOR EQUIPMENT AC- J. EF-1 it 2 
SEE DWG. S-80I > S-802. 

+.FOR LOCATIONS OF SEISMIC BRACING ON ELECTRICAL" CABLE 
• v TRAYS & PENDENT TYPE UGHTS, SEE D'AXJ. S-804. 

5. READ IMS ^WG^, IN. CONJUNCTION WITH OWG.'S S-801,802 it 803. 

6. DO .NOT, CUT. RE8ARS WHILE DRILUNG CONCRETE. 

7i, ALL .CONCRETE ANCHORS SHALL BE PROVIDED WITH NUTS 
'""& WASHERS AS REQUIREO. 
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